231
8503050499 Final Deficiency Rept DR-237 re flow metering & restriction orifice plates supplied  by   Daniel   Industries   w/inadequate   plate   thickness   &   incorrect   bore size.Plates corrected. Condition not reportable per 10CFR50.55(e). BOOKER.J.E. Gulf States Utilities Co. 85/02/13. MARTIN.R.D. Region 4, Office of Director. 1p. 29221:023-29221:023.
8503040573 Interim Deficiency Rept DR-261 re ITE Rowan auxiliary relays (J14 Series).Next rept will be submitted by 850313.
BOOKER.J.E. Gulf States Utilities Co. 85/02/14. MARTIN.R.D. Region 4, Office of Director. 1p. 29194:362-29194:362.
8503050029 Interim Deficiency Rept DR-184 re shop weld on BF Shaw Co support trunnion.Ne>ct rept will be provided by 850314.
BOOKER.J.E. Gulf States Utilities Co. 85/02/14. MARTIN.R.D. Region 4, Office of Director. 1p. 29205:272-29205:272.
8503080162 Final Deficiency Rept DR-265 re shielded cables in excitation cabinets of standby diesel generators supplied by TDI.RTE Delta Co has not completed testing of cable. Deficiency not attributable to site personnel.
BOOKER.J.E. Gulf States Utilities Co. 85/02/14. MARTIN.R.D. Region 4, Office of Director. 1p. 29285:080-29285:080.
8503080240 Interim Deficiency Rept DR-270 re lateral restraints functioning as deadweight supports & zero-gap restraints. Next rept will be provided by 850228. BOOKER.J.E. Gulf States Utilities Co. 85/02/14. MARTIN.R.D. Region 4, Office of Director, 1p. 29285:047-29285:047.
8503080201 Final Deficiency Rept DR-245 re incomplete weld joints between three CRD hydraulic lines & CRD housing flange (part of reactor pressure vessel supplied by GE).Condition not reportable under 10CFR50,55(e).
BOOKER,J.E. Gulf States Utilities Co. 85/02/19. MARTIN.R.D. Region 4, Office of Director. 1p. 29284:297-29284:297.
8503080219 Final Deficiency Rept DR-190 re improper reinstallation of shafts & impellers in four fill pumps supplied by Gould Pumps.lnc.lnitially reported on 850118.Pumps reworked.Gould instructed to stamp pump serial number on replacement parts. BOOKER.J.E. Gulf States Utilities Co. 85/02/19. MARTIN.R.D. Region 4, Office of Director. 3pp. 29284:094-29284:096.
8503080231 Interim Deficiency Rept DR-246 re linear indication & min wall thickness violation on BF Shaw shop weld.lnitially reported on 850118.Linear indication ground out a adjacent areas buiit up.Next rept will be submitted by 850329. BCOK-P.J E. Guif Stares Utilities Co. 85/02/19. MARTIN.R.D. Region 4. Office of Director. 3pp. 29285:044-29285:046.
8503080102 Interim Deficiency Rept DR-266 re installation of Bergen Paterson supplied clamp ears & snubber end paddle welds. Interim or final deficiency rept will be provided by 850307.
BOOKER.J.E. Gulf States Utilities Co. 85/02/20. MARTIN.R.D. Region 4. Office of Director. 1p. 29283:252-29283:252.
8503080166 Interim Deficiency Rept DR-247 re fabrication of pipe anchor clamps.Next rept expected by 850314.
BOOKER.J.E. Gulf States Utilities Co. 85/02/20. MARTIN.R.D. Region 4. Office of Director. 1p. 29284:318-29284:318.
8503080087 Interim Deficiency Rept DR-157 re ASME stock fittings w/painted exteriors & interiors.Interim or final status rept will be submitted by 850329. BOOKER.J.E. Gulf States Utilities Co. 85/02/21. MARTIN.R.D. Region 4. Office of Director. 1p. 29284:283-29284:283.
8503080099 Interim Deficiency Rept DR-239 re wiring of incorrect isolation signaj to two isolation valves supplied by GE for RHR sys.lntenm or final rept will be provided by 850228.
BOOKER.J.E. Gulf States Utilities Co. 85/02/21. MARTIN.R.D. Region 4, Office of Director. 1p. 29283:233-29283:233.
8503080025 Interim Deficiency Rept DR-217 re failure of bolting mat! supplied by Cardinal Industrial Products.lnc.lnitially reported on 850123.Bolting not installed returned to vendor. Investigation continuing.Next rept expected by 850328. BOOKER.J.E. Gulf States Utilities Co. 85/02/22. MARTIN.R.D. Region 4, Office of Director. 3pp. 29285:041-29285:043.
8503080188 Interim Deficiency Rept DR-278 re installation of flow switches supplied by Fluid Components.lnc in HVAC sys.Next rept expected by 850314. BOOKER.J.E. Gulf States Utilities Co. 85/02/22. MARTIN.R.D. Region 4, Office of Director. 1p. 29285:068-29285:068.
8503080192 Interim Deficiency Rept DR-279 re preventive maint for LPCS & RCIC pumps.Next rept expected by 850321.
BOOKER.J.E. Gulf States Utilities Co. 85/02/22. MARTIN.R.D. Region 4, Office of Director. 1p. 29285:071-29285:071.
8503140576  Final Deficiency Rept DR-260 re piping configuration of CRD scram discharge vol vent & drain lines.lnitially reported on 841203.Engineering & Design Coordination Rept P-13.042A issued to implement addition of vent line to CRD. BOOKER.J.E. Gulf States Utilities Co. 85/02/26. MARTIN.R.D, Region 4, Office of Director. 1p. 29377:259-29377:259.
8503140577  Interim Deficiency Rept DR-156 re conductivity cells & conductivity indicators supplied by GE.Next rept anticipated by 850315.
BOOKER.J.E. Gulf States Utilities Co. 85/02/26. MARTIN.R.D. Region 4, Office of Director. 1p. 29377:258-29377:258.
8503150085 Final Deficiency Rept DR-224 re improperly installed &/or adjusted snub-bers on main steam piping.Field deviation & disposition request issued to modify snubbers.ltem not reportable per 10CFR50.55(e).
BOOKER.J.E. Gulf States Utilities Co. 85/02/26. MARTIN.R.D. Region 4, Office of Director. 1p. 29396:302-29396:302.
8503150150 Final Deficiency Rept DR-200 re foreign substances in reactor pressure vessel.Exam revealed that substance would not contribute to stress corrosion cracking or sys coolant corrosion.Condition not reportable per 10CFR50.55(e). BOOKER,J. Gulf States Utilities Co. 85/02/26. MARTIN.R. Region 4, Office of Director. 1p. 29394:196-29394:196.
8503150381 Interim Deficiency Rept DR-272 re piping,nozzles & hangers for reactor re-circulation sys.lnterim or final rept will be provided by 850312. BOOKER.J.E. Gulf States Utilities Co. 85/02/26. MARTIN.R.D. Region 4, Office of Director. 1p. 29392:353-29392:353.
8503140345 Interim Deficiency Rept DR^274 re field wiring to ASCO & Target Rock Corp solenoid valves.Next rept anticipated by 850312.
BOOKER.J.E. Gulf States Utilities Co. 85/02/27. MARTIN.R.D. Region 4, Office of Director. 1p. 29381:213-29381:213.
8503140352 Interim Deficiency Rept DR-263 re thermocouple extension cable supplied by Rockbestos Co.Nexl rept anticipated by 850328.
BOOKER.J.E. Gulf States Utilities Co. 85/02/27. MARTIN.R.D. Region 4. Office of Director. 1 p. 29381:212-29381:212.
8503190116 interim Deficiency Rept DR-210 re Model 510 DU Rosemount card files.Final or interim rept will be provided by 850315.
BOOKER.J.E. Gulf States Utilities Co. 85/02/27. MARTIN.R.D. Region 4. Office of Director. 1p. 29446:088-29446:088,
8503190201 Interim Deficiency Rept DR-175 re HPCS diesel batteries supplied by GE.Interim or final rept will be provided by 850320.
BOOKER.J.E. Gulf States Utilities Co. 85/02/27. MARTIN.R.D. Region 4, Office of Director. 1p. 29445:246-29445:246.
8503070111 Forwards draft "Review & Evaluation of TDI Diesel Engine Reliability & Operability - River Bend Station Unit 1," technical evaluation rept.Rept discussed w/ contractors during 850218 site visit.
SCHWENCER.A, Licensing Branch 2. 85/02/28. CAHILL.W.J. Gulf States Utilities Co. 70pp. 29282:001-29282:073.
8503140018 Final Deficiency Rept DR-239 re high drywell pressure automatic isolation signal not provided on RHR sys upper containment pool valves.Valves provided w/ signal preventing opening when reactor pressure greater than 135 psig. BOOKER.J.E. Gulf States Utilities Co. 85/02/28. MARTIN.R.D. Region 4, Office of Director. 1p. 29381:053-29381:053.
8503140531 Final Deficiency Rept DR-270 re lateral restraints that function as both deadweight supports & zero-gap restraints. Initially reported on 850115.Engineering & Design Coordination Repts C-6833 & C-6869 re restraints issued. BOOKER.J.E. Gulf States Utilities Co. 85/02/28. MARTIN.R.D. Region 4. Office of Director. 2pp. 29376:328-29376:329.
8503150324 Interim Deficiency Rept DR-218 re piston rods in Brown Boveri Electric.lnc Type 5HK circuit breakers.Next rept anticipated by 850315.
BOOKER.J.E. Gulf States Utilities Co. 85/02/28. MARTIN.R.D. Region 4, Office of Director. 1p. 29394:003-29394:003.
8503150370 Interim Deficiency Rept DR-273 re relocation of four Rosemount pressure transmitters.Interim or final rept will be provided by 850326.
BOOKER.J.E. Gulf States Utilities Co. 85/02/28. MARTIN.R.D. Region 4. Office of Director. 1p. 29392:354-29392:354.
8503150490 Interim Deficiency Rept DR-267 re optical isolators supplied by GE.Next rept anticipated by 850320.
BOOKER.J.E. Gulf States Utilities Co. 85/02/28. MARTIN.R.D. Region 4. Office of Director. 1 p. 29391:360-29391:360.
8503150494 Interim Deficiency Rept DR-268 re Rosemount trip units supplied by GE.Next rept anticipated by 850321.
BOOKER.J.E. Gulf States Utilities Co, 85/02/28. MARTIN.R.D. Region 4, Office of Director. 1 p. 29391:359-29391 ;359.
8503120437 Final Deficiency Rept DR-264 re physical separation between Div I & Div II panel wiring in Remote Shutdown Panel C61-P001 supplied by GE.Condition not re-portable per 10CFR50.55(e).
BOOKER.J.E. Gulf States Utilities Co. 85/03/01. MARTIN.R.D. Region 4, Office of Director. 1p. 29313:009-29313:009.
8503150119 Interim Deficiency Rept DR-242 re fracture of pinion gear in Limitorque motor operator for safety-related valve in RHR sys.Next rept will be provided by 850328.
BOOKER.J.E. Gulf States Utilities Co. 85/03/01. MARTIN.R.D. Region 4. Office of Director. 1p. 29396:233-29396:233.
8503120366 Final Deficiency Rept DR-252 re as-constructed weld sizes & lack of post-weld heat treatment trunion welds on pipe support components supplied by BF Shaw Co.Condition not reportable per 10CFR50,55(e).
BOOKER.J.E. Gulf States Utilities Co. 85/03/04. MARTIN.R.D. Region 4, Office of Director. 1p. 29316:207-29316:207.
8503120396 Final Deficiency Rept DR-282 re lack of anti-siphon device in spent fuel cooling lines in containment & fuel bldgs. Initially reported on 850201.Anti-siphoning holes drilled as required by sys design drawings.
BQOKER.J.E. Gulf States Utilities Co. 85/03/04. MARTIN.R.D. Region 4. Office of Director. 3pp. 29316:130-29316:132.
8503120431 Final Deficiency Rept DR-188 re defective hubs on socket flanges supplied by West Jersey Mfg Co.lnitially reported on 850201.Flanges in question discarded. BOOKER.J.E. Gulf States Utilities Co. 85/03/04. MARTIN.R.D. Region 4. Office of Director. 3pp, 29317:066-29317:068.
8503120460 Interim Deficiency Rept DR-281 re bearing support in concrete pads for charcoal filter units supplied by American Air Fifter.lnterim of final rept will be provided by 850329.
BOOKER.J.E. Gulf States Utilities Co. 85/03/04. MARTIN.R.D. Region 4, Office of Director. 1p. 29313:013-29313:013.
8503210235 Final Deficiency Rept DR-229 re installation of eight incore guide tube stabilizer &/or cross tie bars supplied by GE. Assembly of guide tubes not possible due to orientation of cross tie bars.Not reportable per 10CFR50.55(e). BOOKER.J.E. Gulf States Utilities Co. 85/03/06. MARTIN.R.D. Region 4, Office of Director, 1p. 29477:220-29477:220.
8503220417 Final Deficiency Rept DR-213 re pressure setting on safety valve greater than max allowable working pressure for air start sys air receiver tanks on HPCS diesel generator supplied by GE.Item not reportable under 10CFR50.55(e). BOOKER.J.E. Gulf States Utilities Co. 85/03/06. MARTIN.R.D. Region 4, Office of Director. 1p. 29483:296-29483:296.gned. 85/03/08. 3pp. 29373:132-29373:134.d Licensing Board Panel. #185 064. 85/03/14. Office of the Executive Legal Director. 8pp. 29375:295-29375:302.. 29506:039-29506:046.tation.Util implementation of plan constitutes act contrary to law.per NY State Supreme Court 850220 ruling.Related correspondence. GALLAGHER.J.C. Suffolk County. NY. #185 171. 85/03/14.
